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No alterations were made in it for two reasons: first, that the
system, both before and after the overhauling of the contact
beds, achieved the specified degree of purification without the
sand filter at all; and second, because the expense of making the
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Fig. ,41.   Suggested rearrangement of Hand filter at Fort DOS MoinaH, Iowa.
filter more effectual would not be justified by the rewrite. At
one time, however, the writer contemplated modifying thin
design as shown in Fig. 41 so an to make*, the bed a filter in a
real sense as described by the following instructions:
" The Sand Filter.  Thin will have to be entirely emptied of
sand and the pipe relaid.   The best method is to begin at the
lower end of the filter and wheel the sand from the bed to the
opposite end, until about thirty feet are clear. Grade the bottom
carefully as in the drawing furnished, at that end, and lay the
pipe in a ted of screened gravel 8 inches deep, being as careful
as in the ease of the other beds to get it true to grade.
" In the case of the sand filter which is to be at all times filled